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ABSTRACT 


A method to control a large bore, slow speed diesel engine utilizing 
a digital computer has been developed. The particular engine selected for 
the study was of the direct drive reversing type coupled to a fixed-pitch 
propeller. 

In order to control a propulsion plant and avoid a costly experimental 
program, one must be able to model the plant. Adequate models for this 
purpose have been developed by others, except that no models for reversing 
se] engine with a fixed-pitch propeller were found in the literature. 
Therefore, a model for reversing the slow speed engine was constructed. 
Computer simulation was carried out on the Interdata 70 and IBM 1130 com- 
puter facilities at M.I.T. utilizing the Dynamic System Simulation Program 
(DYSYS) developed by the Department of Mechanical Engineering. 

A hardware survey covering sensors, signal processors/converters, 
mini computers (process control), actuators, and display devices was con- 
ducted. From the results of this survey, equipment for control of an actual 
engine could be selected. 

A scheme for control of the engine was constructed and carried out to 
the logic flow diagram level. An estimate of the computer size needed to 
accomplish the control process vas made. In addition, a brief discussion of 
problems associated with automation and the state of the art was also in- 
cluded. 


Thesis Supervisor: A. Douglas Carmichael 
Title: Professor of Power Engineering 
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ON 
CHAPTER I. 


INTRODUCTION 


T: Background 
A, Automatic Control as an Aid to the Maritime Community 


Automatic controls bring several possible advantages to the ship owner/ 
operator: 

(1) Improved conditions for the crew by transferring tedious repeti- 
tive work to automatic operation. 

(2) Savings due to more efficient use of the crew; i.e., by transfer- 
ring personnel from watchkeeping to day work, more overall maintenance work 
may be performed. 

(3) An increase in the availability of the ship due to an improved de- 
gree of operation and maintenance. 

(4) Savings in operating costs due to improvements in the efficiency 
of the machinery. 

(5) Reduced ship manning levels. 

(6) More rapid sensing, alarming and rectification of propulsion plant 


maloperation. 


The word possible is stressed because the above are potential advantages and 
become reality only when automatic controls are properly applied and utilized. 
It is obvious that automatic control when it is not necessary or even de- 
sirable will lead to different results. 

5 “lay Digital Control” 
Shipboard automatic control systems in the past have generally been of the 


E-matic, hydraulic, electric or combination type. The control loops and 


5 
alarms usually associated with these schemes have generally consisted of 
isolated systems operated by variations in only one parameter, for example, 
cooling water temperature, or lubricating oil pressure. A need exists for 
coordination of these isolated systems. Two basically different metnods 


for accomplishing this are analog and digital. 


Analog systems have been used extensively in the past and abound in nature; 
2  “cpulsion plant control parameters such as pressure, temperature, 
Etc... are analog in nature. Practically speaking, there are many 
more analog than digital transducers. However, extremely precise, large, 
Spread out analog systems are generally not seen. Logging of analog systems 
is by strip chart recorder, and although simple to operate and economical, 
logging of a large number of inputs can be cumbersome, and data reduction 


and retrieval is difficult. 


Most of these shortcomings are eliminated by using digital control systems. 
Digital signals are easily transmitted for greater distances than analog 
Signals, and although their logging systems may be more complex than the 
Strip chart, this is overshadowed by the ease of information retrieval. 
Digital logging of hundreds of input signals such as might be al in a 
complex control system can be accomplished by digital equipment at much less 


£— than with strip recorders. 


Once digital logging equipment has been installed in ships, as it is widely 
being done today, then "...the natural step forvard...is computer control, 
either in a simple form in which conventional control loops are retained 


and certain remedial actions are instigated by the computer when an alarm 





O 
condition occurs, or in a more comprehensive form in which the computer 
takes over the duties of the separate control loops." 3 Additional reasons 
for the "natural' step to computer control are the increasing size and com- 
ии OL modern propulsion plants, and the benefits accrued by searching 
for maximum efficiency realizing that small percentage changes in the uses 
of large masses of capital equipment can yield significant savings in opera- 


[onal costs. 


As mentioned previously, most propulsion plant parameters are analog in 
nature, and at first glance since digital transducers at competitive prices 
are not readily available, this might pose a problem. However, this poten- 
tial trouble area is eliminated by the large number of analog to digital 
(A/D) and digital to analog (D/A) converters that are available to the sys- 


tems engineer. 


Direct digital control, where the digital computer performs the control cal- 
culations, gives the control engineer the greater design flexibility (he is 
not tied down to conventional controllers), and control performance can be 
improved (there is no effective limit to the precision of digital computa- 


Sion). aA 


Digital computers can also be applied in a variety of areas of the ship other 
than the machinery area. For example: 5,6 

(1) Loadinz/unloading operations: to minimize turn-around time; reduce 
manning requirements; issue documentation; monitor tank levels and environ- 
ment. 

(2) Navigation: route planning; fixes and other calculations; colli- 


sion avoidance; steering control. 





B 
(3) Administration: statistical analyses; record keeping; stock/ 


Kory control; payroll. 


CS r: strain calculations; stability calculations. 


C. Historical Development/State of the Art 
1. Automatic Control in General Automatic control of ships 


7 “6 ütilizing a digital computer is still a nev technique, and only 


slightly older is automatic control of shipboard machinery in general. 


For a number of years, automatic controls have been successfully applied 

in a variety of industries. The maritime community, until very 57) 
hovever, has not been as "progressive" as its land-based counterparts. As 
early as 1960 the principles of automatic controls vere vell knovn to de- 
signers and engineers in the marine field, but it took five years before 

any significant portion of nev construction or even designs for ships not 
yet built had sufficient automation features for unattended machinery spaces 
to be considered. According to at ee. one authority, İ the reasons for 
this delay vere: 

(1) Control equipment offered the marine industries had been primarily 
developed for land installations, and Vhen subğected to heat, vibration, and 
humidity of the magnitude found in shipboard machinery spaces, many instru- 
ments failed and modifications vere needed. 

(2) Compared with the land market, the marine industry's needs were 
small and many control system manufacturers simply turned their 5. 
toward brighter prospects. 

(3) A reluctance of marine engineers to foresee the ultimate use of 


controls engineering aboard ship; i.e., the unattended machinery space. 
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(4) Doubts by the marine community as to the reliability of auto- 
fac controls. 

(5) Governmental authorities and societies were slow to react to 
progress made in automatic controls, and required that engineers should 
Spend a certain number of years in engine rooms prior to certification. 


(It had always been done that way!) 


Thus there were both technical and psychological barriers to overcome be- 
fore automatic control could become a universally accepted reality. Through 


the 1960's both these problems were gradually overcome. 


Although isolated individual components had earlier had automatic controls, 
in 1961 when the Mitsui-built KINKASAN went to sea it was correctly hailed 
as the first automated ship. ğ This ship displaced 9TOOtdv and vas propelled 
by a 12,000 bhp Burmeister and Wain low speed diesel with three auxiliary 
diesel generators for electrical power. Her auxiliary boiler had automatic 
combustion controls and feedwater regulation. Other features included: 
bridge control of the main engines; automatic recording of cylinder liner 
and exhaust gas temperatures and orders on the engine telegraph. The main 
air compressors and fuel oil transfer pumps stopped automatically, and fuel 
oil temperature was automatically controlled. Cooling water valves for the 
diesels were remote controlled by the watchkeeper from an air conditioned, 


soundproofed control room. 


By 1963, awareness of automatic controls had increased and a significant 
number of papers on the subject were being read before institutions de- 


voted to the advancement of marine engineering. At this stage, although it 





eis. 
25” cınovledged that automatic controls enabled the numbers of watchkeepers 


ии reduced, no attempt to coordinate and rationalize automatic controls 


for unattended operation of the machinery spaces was reported. 


In 1964 the East Asiatic Company's ANDORRA put to sea and operated at night 
with an unattended machinery space; this ship was followed shortly by sever- 
al others. Their features included thermostatically controlled cooling sys- 
tems, automatic engine shutdowns on failure of the lubricating oil system, 
automatic control of auxiliary machinery, and comprehensive alarm systems 
including bilge level and fire alarms that operated on the bridge and in 


the engineer's accommodations. 


After 1966, automatic controls spread rapidly. The sound isolated, air 
conditioned control room became common. Data logging equipment began to be 
used, including features which: (1) automatically operated alarms for off- 
limit readings; (2) periodically printed readings and also on demand; (3) 


continuously scanned all or at least vital points. 


The widespread use of controls first appeared in diesel-powered ships for 

two reasons; first, it is more difficult to apply automatic controls success- 
fully to the complex combination of boilers, turbines and steam/feed systems, 
and secondly, before 1960, oil engines dominated commercial propulsion. The 

first significantly automatically controlled steam plant was installed in the 
RYOYO MARU in 1965. She had a 20,000 shp low head steam turbine and utilized 
a television system which enabled one engineer and one rating to operate the 

plant. Bridge controls were not fitted, but other controls included: (1) 


hydraulic control of the turbines; (2) pneumatic operation of the turning 





ın 
gear from the control room: (3) automatic lube oil temperature and gland 
steam pressure control; (4) automatic combustion and burner ignition control; 
(5) auto starting emergency diesel generator as well as other essential 


10 
auxiliaries. 


Bridge controls were installed in subsequent steam-propelled ships and the 
use of automatic controls spread as in the diesel case. By mid-1969, 23 
steam turbine as well as 205 diesel ships qualified for the UMS designation 
by Lloyds Register of Shipping. 

2. Digital Computer Control 

In the early 1960's digital computers first began to be used extensively 
for industrial equipment monitoring and process control, especially in the 
chemical, electrical power generating and steel industries. As in the case 
Kuu J ral automatic control, marine applications of direct digital control 


" 


lagged behind largely because first, "...until recently (i.e., the latter 
half of the 1960's) there has been no equipment compact enough, cheap 


enough, reliable enough and powerful enough in its control capability to be 


tt 


economically used aboard ship, ...(and second,) user attitudes...." By 
1965, however, feasibility studies were being made to apply computer methods 


Eo Ships. 


The first use of a digital computer aboard a ship was probably on the re- 
frigerated cargo ship POLAR ECUADOR and her five sister ships built by 

Blohm and Voss for temperature control of the cargo holds and monitoring of 
the engine room and refrigerating machinery. In 1968 the refrigerated cargo 
ship AQUILON, built in Belgium, was fitted with a computer, which in addi- 


tion to the above, performed logging functions and navigation calculations, 





Ej 


12 
and provided warnings of potential collisions. 


In 1969, the QUEEN ELIZABETH 11 was provided with a digital computer whose 
purpose was to control the ship's fresh water generating plant, and condens- 
er vacuum as well as monitoring main and euxiliary equipments and performing 


stock control functions for the ship"s hotel services. 


£72m 7 7 ant development in computer controls vas the 210,000dvt tanker 
SEA SOVEREIGN vhich entered service in late 1969. Built by the Swedish firm 
7 ms, control loops for boiler automatic combustion, water level, su- 
perheated steam temperature, and main turbine gland steam pressure, together 
with certain controls on the steam generator and deaerator were included. 
These functions could also be performed conventionally, and the computer was 
SS Dabble of performing navigational calculations, course prediction, 
autopilot steering, and limited cargo handling control. The ASEA "Turbodac" 
program and System 1700 (24K work memory) process control computer provided: 

(1) alarm monitoring of machinery 

(2) trend calculations and recording 

(3) alarm printout 

(4) data logging; printout every four hours and on demand 

(5) bridge control of main machinery 

(6) maneuvering log 


(7) “economic monitoring" of machinery to achieve "optimum conditions." 


The British build 900dwt sludge carrier GLEN AVON has been operating with an 
unattended machinery space and without an engineer aboard! The M2112 com- 


puter with a memory capacity of 4096 words (16 bits per word) provides 





-16- 
multi-interrupt capability, scanning 128 analog and a like number of digital 
signals, and prints output on a standard IBM "golfball" typevriter or tele- 
£:5: Å central concept of this scheme is that the computer be capable 
7-m .“4ing shore-side enzineers with sufficient information to carry out 
maintenance of the ship"s machinery. The same computer vith an expanded 
memory of 8192 words was installed in the stern freeze trawler ST. JASPER. 
EN  vyded additional control functions including fault analysis and con- 


iL” 


ection and trend recording. 


The same company that built the automation for GLEN AVON, GEC-Elliot, also 
provided the computer based automation-watchkeeping equipment for a total 
00756 Brazilian operated cargo ships, the first of which was ITAQUICE. The 
installation performs automatic trend recording, alarm recording, indication 
of machinery malfunction, automatic logging of machinery and maneuvering re- 


fording. 


In 1969, the Norwegian tanker TAIMYR was equipped with a computer from which 
other systems concerned with navigation, an autopilot, machinery monitoring 
and data logging have been developed. This system is notable in that it is 
modular in both its hardvare and softvard construction. Similar installa- 
tions vere later installed in the steam turbine tankers THORSHAVET and 
TABRIZ. 5 In this same year, an IBM 1800 with 2LK word memory vas in- 


stalled in the 10,000dwt M.V. ESQUILINO for data acquisition and processing 


concerning navigation and automation of machinery eventually envisaged. 


A TOSBAC 3000 computer with 16K word memory supplemented by an 80K drum 


memory was installed in the 138,000dwt SEIKO MARU (also called the TOKO 





EU 
MARU in some publications) which entered service in 1910. Features of this 
installation included: 
(1) logging, monitoring and supervisory operation of main and auxiliary 
machinery. 
(2) fault analysis and initiation of corrective action including engine 
speed reduction or shutdown and switching of machinery. 


16 


(3) limited health diagnosis of sick crew members. 


Four systems and a central computer developed jointly by Nippon Kokan Showa 
Shipping and the Oki Electric Company, Ltd., are being tested in the 
261,000dwt tanker KINKO MARU. The system consists of an anti-collision sub- 
system, a ship's speed measuring subsystem, an automatic chart position 
plotter and a boiler monitor subsystem. The central computer is an OKITAC 


1 
4300 with 16K memory. í 


Among the latest and most highly automated ships yet at sea are the stand- 
ard 255,000dwt turbine tankers SEA SERPENT and SEA SWAN which are the first 
of a series. These ships are equipped with a computer system developed by 
Kockums of Sweden, probably the first instance that a shipbuilder as op- 
posed to a subcontractor has been responsible for the design and supply of 
advanced electronic controls involving a computer. The Kockums 530 comouter 
contains a general purpose digital computer manufactured by Kongsberg 
Vapenfabrikk of Norway and incorporated a 24K memory. The computer system 
features emphasize navigation and turbine control and include: 

ei) a doppler log and satellite receiver for navigation 

(2) automatic steering 


(3) a Sperry autopilot 





opa 
(4) automatic boiler regulation and combustion control 
(5) automatic main engine control taking into consideration ship's 


18 


loading and machinery thermal limits. 


The M.V. HOEGH MULTINA, a 52 ,000m? LPG carrier goes a step further than 
most. Not only does the system carry out a large number of functions con- 
cerned with engine monitoring and control, but a separate process computer 
Bnalyzes the condition of machinery components and produces data for pre- 
ventive maintenance as well as being available as backup for the main 


process mini-computer. 


From the above, it can be seen that most of the development work in this 

field has been done in Europe, and some of the effort was government spon- 
sored on a research basis. As of late 1971, there were slightly more than 
20 ships at sea with digital computers installed for the performance of a 


n 


variety of tasks. Due to the relative scarcity of detailed technical in- 


formation available, it is not clear how many utilize direct digital control. 


3. Scope of the Project/Plan of Attack 


It should be clear that the complete design of a direct digital control 
scheme (direct digital control is where the computer performs the control 
calculations) for a large bore diesel engine is a task of great magnitude 
requiring several men a number of months to accomplish. One estimate of 
typical software development costs for a program carrying out navigational 
and machinery applications is two to eight man years! In addition, under 
optimum conditions, there should be collaboration between the control engi- 


neer, the machinery designer and the naval architect. Therefore, the scope 





5 
Of this project will be similar to a preliminary design effort, and further 


577 “i11 be required to translate the control plan into reality. 


ühƏ main plan of attack in accomplishing the task will be threefold: 

(1) Simulation. In order to control a propulsion plant and avoic. 
possible lengthy and costly experimental programs, one must be able to model 
2:6. Adequate models for large bore, low speed diesels have been de- 
veloped by others (the work of E. R. Freeman is relied upon heavily in this 
paper), except that no models for the reversing of a direct drive low speed 
engine were found in the literature. Therefore, the first task was to de- 
velop such a model for the Burmeister and Wain (B/W) 7K98FF engine (also 
used by Freeman). 

(2) Hardware Survey. If a control scheme were to be implemented, the 
designers must obviously be familiar with the hardware available for perform- 
ance of the task; i.e., the hardware and software must complement each other. 
Therefore, & hardware survey covering sensors, signal processors/converters, 
mini process control computers, data display devices and actuators, was con- 
ducted by corresponding with leading manufacturers in the control field. 

(3) Logic Design. In an effort to limit the design effort to an amount 
that could be feasibly accomplished by one individual, the logic design was 
wed out only to the flow diagram level. To do this, analyses of the 
functions to be performed, parameters to be measured, and the like had to be 
performed. The remaining work to be accomplished if the system were to be 
implemented included actual writing of the program for a specific installa- 
tion and system testing (no small tasks indeed!). In addition to the above, 


a discussion of the problems associated with automation was included. 





ZOO = 
275:- the main goal of this work is to construct the logic to effect the 


control of the diesel engine, the reader will see that the above is con- 


sistent with established computer control practice: 


"...the control programmer should be familiar with the process to be con- 
trolled, the model and control strategy to be employed, the process instru- 
mentation from which information is fed to the computer, and the computer 


system itself." 
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CHAPTER IT. 


SIMULATION 


1. General 

As discussed previously, modeling and subsequent simulation is a very useful 
tool to the control engineer. In the diesel engine field, although there is 
not an overabundance of literature on the subject of propulsion plant simula- 
tion, the work of Freeman 2 is an excellent compilation of available material 


and is utilized extensively in the discussion that follows. 


In many instances below, it is to be noted that either (1) different al- 
gorithms for certain parameters (e.g., shaft losses) could be used, or (2) 
optimization studies (e.g., propeller selection) or testing could be performed 
to further refine values used in the model, but this work was not considered 


to be a part of this project. 


2. Low Speed Diesel Engine 


Basic Relationships 
The basic equations pertaining to diesel engines are found in several excel- 


27 


lent references. 


The pover produced in the engine eylinders, the indicated horsepover (IHP), 


is given by: 


IHP - PLAN EE 
33000 
where: 
P = indicated mean effective pressure (1bs/in*) 
L = stroke (ft) 





m 
5 


„> 
II 


total piston area for a multi-cylinder engine (in 


revolutions per min (RPM) (two-stroke engine), or RPM/2 (four- 


= 
I 


stroke engine) 


The available output shaft horsepower, brake horsepower (BHP) after losses 


due to friction and internal loads (attached pumps, turbochargers, etc.) is 





given by: 
BIEN y PLA (HP) 
33000 
EE nm, - the mechanical efficiency = pür 
1016 


The mean effective pressure, P, can be measured directly and is proportional 
to the energy released by combustion in the cylinder, which in turn is pro- 

portional to the amount of fuel injected per each power stroke. The amount 

Eu Uu injected per stroke is constant for a given fuel setting since a 


positive displacement pump mechanism is used on most diesel engines. 


Rotational power is expressed as the product of torque, T, and rotational 
2— W, and is equal to BHP: 


Nm PLAN 
33000 


Therefore: 


My? LA 


T * 127)33000 
or torque is constant for a given fuel setting regardless of the rpm. The 


above relationships are known as the ideal torque-rpm and power-rpm rela- 


tionships. 


2.2 Assumptions 


(1) Although Freeman discussed other models, the preceding Was used 





05 
in his simulations, and also in the reversing simulation that follovs. It 
is to be noted that the model does not produce the oscillatory torque char- 
acteristic of internal combustion engines, but that vas not considered 
necessary for these studies. 

(2) References (4) and (5) were initially used to estimate the moment 
of inertia of the engine for use in the dynamic equations, and later refined 
by reference (12). 

(3) Because Freeman used the Burmeister and Wain 7K98FF, for matters of 
consistency and expediency the same engine was used in the reversing model 
described here. From the test stand data it was found that for the 7K98FF, 
torque-fuel settings were not quite linear and therefore were stored in the 


computer (see Appendix B). 


— Reversing 
EE 


Reversing a low-speed engine is accomplished by the following procedure: 

ED Fuel setting is positioned to zero; 

(2) The starting air and fuel mechanisms (also the exhaust valves in 
the case of a uniflow scavenged engine like the K98FF) are set to the "astern" 
position; 

(3) If necessary, the ship's speed is allowed to decrease until the "re- 
versing speed" is reached. (Reversing speed is defined as that speed at which 
the torque that can be developel by admitting starting air to the engine in 
the reverse direction is sufficient to stop the engine and propeller and re- 
verse same.) 

(4) Cut in starting air: 

(5) When the engine has achieved firing speed in the reverse direction, 


the fuel setting is advanced to the appropriate position and application 
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Bear 1S terminated. 


In the reversing model the following parametric values were used: 
ial ship's speed: 12 knots 


217 tor fuel setting to reach "no fuel" 
position: .3 sec. 


Time to shift cams for running in astern 


Erection: 2-3 Sec. 
RPM at which reversing air cut: 52 
Reversing torque developed by the applica- 6 

tion of air to the engine (4 cylinders): 5000510 fr. dibs, 
Firing speed: .15 rev./sec. 


Time for fuel setting to go from "no fuel" 
EN full fuel" setting: approx. å sec. 


propeller 


The model used to simulate the fixed-pitch propeller was that proposed by 
Van Lammeren, Van Manen and Oosterveld for the Wageningen B. Series. ğ ın 
this model, the non-dimensionalized thrust and torque coefficients are rep- 
resented in the form of a Fourier series as a function of hydrodynamic pitch 


angle 8, defined by: 


n ( Va) 

= a EEG 0007 

retan TT) 

where: Va = propeller speed of advance (ft.sec.) 
N = propeller rotational speed (rev./sec.) 
D = propeller diameter (ft.) 


° a . ə x £ 5 a 
Ihe non-dimensionalized thrust and torque coefficients, Cp and Cg, are given oy: 


K=M 
Cp = E A(K)cos(K8) + B(K)sin(Kg) 
K=0 
K=M 
2 C(K)cos(K8) + D(K)sin(KB) 
K=0 


x 
1004 





— 


The thrust (T) and torque (Q) are then found by using the relationships: 


3 
" 


& et? + (0.TmNHD)2j- 02| (1b) 


La 
II 


Co Geet? Í (0.791)? D3) (ft-1b) 


Reference (8) shows that the values of the coefficients A(K), B(K), C(K), 

and D(K) as calculated by a 10-term series very closely approximate the meas- 
ured characteristics of the B Series. As in the work of Freeman, the B 4-70 
screw (but with a 23-foot diameter) was used in the reversing model, although 


coefficients are also presented for others in the series in the reference. 


As will be shown later, the propeller moment of inertia must be calculated 
for use in the dynamics equations. The moment of inertia of the propeller 
was estimated using references (9) and (12) with an allowance of 25% of the 


inertia for added mass. 


4. Shafting 


As in the work of Freeman and others, shaft friction losses are represented 
in å "table-look-up" form in the simulation. Information from Burmeister 

and Wain indicated that these losses accounted for about 10% of rated torque 
at design load, and thus the shaft friction torque, Qe, was approximated by 


the expression: 


Qe = 25000 (ft-lbs) O < N < .L17 
27722) (06105) N > .417 
where: N = shaft speed (rev/sec) 





BORE 


Seon) Characteristics 
To model the ship, a number of characteristics familiar to the marine 


engineer must be considered. 


2” Eke Fraction and Thrust Deduction Factor 
The wake fraction, w, determines the velocity at which the propeller is ad- 


E 0 in relation to the ship velocity, i.e., 


Va = (1-w)V 

where: a Propeller” speed of advance 
V = ship speed 
w = wake fraction 


The thrust deduction factor, t, indicates how much propeller thrust is re- 


duced due to hull interaction: 


IE on la) 
Ti = net thrust 

where: e OBEN vater propeller thrust 
E sa D USt deduction factor 


Freeman provides a discussion of the manner in which these two parameters 
have been treated in previous simulation efforts, and in research work to 
determine their variation under different ship's speeds and shaft rpm condi- 


"...it can be seen that there is no general agreement 


ons. He concludes 
on the treatment of these two factors. The feeling appears to be that these 
two factors are so small that any errors in their treatment will have neg- 
ligible effects on the total simulation." l Although this may not always 


be true, and w and t do vary, this author assumed constant values of wake 


fraction (w = 0.04) and thrust deduction factor (t = 0.02), as did Freeman. 
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5.2 Added Mass 

As in the case of other characteristics, the manner of treatment of added 
mass by various authors has not been universal. Model testing and other 
techniques might yield a better number, but a value of 10% has been used 


here and in Freeman's work. 


5.3 Resistance/Displacement 


It is clear to the marine engineer that for the most accurate representa- 
tion of resistance, the modeler should use data from actual towing tank 
tests, standard series data, or other sources. Since a hypothetical ship 
was involved in the reversing model, the expressing for resistance (R): 


R= 611.8 v? 


H 


ship velocity (ft/sec) 


bere: V 
vas used. This loosely follovs from (1) application of the "Propeller Lav" 
that resistance is proportional to the square of velocity for ships vhere 
the vave drag is small, and (2) equating propeller thrust and approximate 


design speed (assumed to be 15-16 kts.) for a 90,000-ton displacement ship 


driven by a 24,500 bhp engine. 


6. Ship Dynamics 


The ship propulsion equations (with no external forces or rudder movement) 


are first order, non-linear differential equations: 


rust 
Men. 
dı 
E 2 
vhere: M = mass of ship E 


V = ship velocity (ft/sec) 





| 
I 


0 


thrust (lbs) 


Tz 
R = resistance (lbs) 
Torgue 
O 
de 
where: FC rotational inertia of drive train (1b-ft-sec2) 
N = propeller speed (rev/sec) 


Qp = prime mover drive torque (ft-lb) 


shaft friction torque (ft-lbs) 


OD 
"Ij 
II 


propeller torque (ft-lbs) 


D 
FU 
II 


The two equations are coupled through the propeller terms T and Qp. Bode 
tions of the equations were obtained using the Dynamic System Simulation 
Program (DYSYS) on the M.I.T. joint Civil Engineering/Mechanical Engineer- 
ing Interdata 70 computer. The solution employs a fourth order Runge-Kutta 


integration technique. 


T. Results 
Using the model described above, a simulation of a "crash-back" maneuver 
from an initial speed of 12 knots was performed. Figures 2-1 and 2-2 are 
51005 of: 

shaft speed 

ship speed 

distance travelled 

propeller torque 

diesel toraue 

thrust 
from the simulation. The actual computer program utilized in the simulation 


is presented in Appendix B. 
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DIGITAL CONTROL TECHNICAL DESIGN CONSIDERATIONS 


1. General 

Having reviewed some examples of ships having digital computer control appli- 
cations, and presented an analytical model for the low speed, direct drive 
diesel engine/fixed-pitch propeller combination, the considerations upon 
which the design of a digital control scheme depends are next investigated. 
It is upon this foundation that the validity and feasibility of the remain- 
ing work rests. Each of these considerations, within the scope of this’ 
project, will be addressed in Chapter V. It should be realized that al- 
though many of the items to be discussed are interdependent, they will be 
presented individually, and that much of the material is drawn from general 
process control theory/practice, there being little published information 
concerning details and considerations of shipboard computer installations. 
The following is not claimed to be an exhaustive list, but only representa- 
tive of technical areas to be considered in the design of a digital computer 
control system. Other non-technical areas will be briefly discussed in 


Chapter VI. 


Control Stratesy/Funetions to be Performed 

2.1 The Basic Scheme 
Ås in any systems analysis related work, before significant work can be ac- 
complished, the overall goals, i.e., the control strategy, must be decided 
leer. Although in this particular case, direct digital control (DDC) has 
been selected as the control scheme, there are many others possible. They 


are usually classified according to the degree of direct inclusion of the 
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EEuputer in the control loop; besides DDC, alternatives include (see 
Table III-1 for definition of terms): 

(a) Process monitoring with data reduction 

7"57? Off line" and "open loop" control 

(c) "On line" but "open loop" control (or "operator guide" control) 

(d) "On line" and either "open" or "closed loop" steady state super- 

1 on ol plant control according to external criteria 
7 Closed loop," "on line" steady state control 


Dynamic” control‏ اا 


The questions that must be answered before the selection of the basic con- 
trol scheme is made include: (1) What is to be the role of the operator 
in the control scheme? (2) How rapid a response time is required? (3) 
How many varameters need to be monitored/controlled? (4) What is the 
reliability of each alternative? (5) What is the cost? It is obvious 
that if unattended machinery spaces are desired, the degree of inciusion 


of the computer in the control process must be high. 


2.2 Functions to be Performed = 

Computer functions in process control may be divided into two categories, 
Ne Visory functions and control functions. In its supervisory role, the 
computer assists or guides the operator in making his control decisions 
(which may be of an operational or maintenance nature) by presenting him 
with accurate and timely information. In its control function, the com- 
puter explicitly calculates control action to be taken and either advises 
the operator to that effect (open loop) or imposes control automatically 


in the closed loop mode. 
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Table 111-1 


DEFINITION OF TERMS 

Off-line control--the computer receives information through a non- 
machine (human) intermediary. 

On-line control--the computer is directly and continuously connected 
to the process. 

meen loop control--uses the computer to calculate control action, 
but has no direct connection to the process; i.e., the operator 
Must carry Out required action. 

Closed loop control--control actions calculated and recommended by 
the computer are directly applied to the process. 

Direct digital control--the computer acts like a conventional con- 
troller, and its signal goes to the final control element, such 
as a valve actuator. 

Dynamic control--process control during transients as well as steady 


state. 
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AER. Process Supervision--Monitoring 


Regardless of the sophistication of the eventual control system, the neces- 
sary starting point for the computer is to determine the current conditions 
in the process including the status of instruments, process variables, and 
equipment. In accomplishing this, many or all of the following may be car- 
pied out: 

(a) Sensing instruments are scanned either on a fixed time schedule, 
on operator demand or program/process demand. 

(b) The sensed "signal" is processed, and checked for instrument or 
Other error, 

(c) Signals are analyzed for trends. 

(å) The status of equipment is determined; "forbidden" combinations 
of equipment can be prevented. 

(e) Several sensing instruments can be analyzed as a group to determine 
& particular machinery performance. 


(f) Leakage rates can be determined by analyzing level changes. 


2.2.2 Process Supervision--Logging and Alarming 


The signal from the instrumentation is the medium whereby the computer is 
updated about the process. Whether DDC is used or not, certain of this in- 
formation must be made available to the operator even in an unattended ma- 
chinery installation for such requirements as: (1) follow-up corrective 
action after equipment or other malfunction, (2) preventive maintenance, and 
(3) plant status at the ship control and power plant control stations and 


elsewhere. 


The computer is capable of maintaining complete logs, thereby freeing an 
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Seeracor from this chore. When necessary, current or previous information 
may be presented on a variety of output devices for analysis, and operator 
attention may be called by several means. Logging is usually done period- 


ically, with demand option. 


Ber Process Control--Preplanned Control 
Fixed or predetermined control action can be carried out by the computer; 
great care must be taken to ensure that it is valid over the anticipated 
range of plant conditions. Preplanned control can be applied either as a 
standard operating practice or in the form of sequential actions. 

Standard operating practice may be used when it is desired to repeat 
relatively simple evolutions such as maneuvering (speed changing) and the 
like, where a certain response is expected, or in casualty situations where 
immediate corrective action is necessary regardless of other plant condi- 
IONS. 

İ —cing control may be used vhenever a series of predetermined con- 
trol actions needs to be carried out, and considerable monitoring and logi- 
cal checking are necessary before proceeding in the sequence. Typical of 
these applications is plant (main or auxiliary) startup and shutdown, or 
follow-up corrective action after immediate action (by standard operating 


procedure) has been carried out in a casualty situation. 


2.2.4 Process Control--Regulatory Control 


This application is the familiar situation where computer control is applied 
to maintain process variables at desired values. A variety of control con- 
cepts may be utilized including feedback, feedforward and multivariable con- 


trol (control of many variables on an integrated basis taking into account 
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the complexities of their interrelationships vice simple cascading control). 


 — Process Control--Optimizing Control 


This application is usually the most complex, most expensive, and frequently 
the most financially rewarding long-run application of computer control. It 
is here that the overall economic implications of the control action are ex- 
En: end deliberately taken into account. Unfortunately, optimizing 
control is not appropriate in all control situations, but when it can be 
used, the ability of the computer to combine the consideration of current 
variables with physical and economic laws and criterion can be a most pover- 


700 (ool. 


Thus, from almost the outset of the control design effort, the overall goals 
and scope of the eventual system must be clear in the designer's mind. It 
may be possible to perform certain evolutions such as cold plant startup and 
Shutdown in port manually or this may be performed under computer control; 
regardless of the alternative chosen, the impact on the complexity, size and 


cost of the control system are obvious. 


3. Parameters to be Measured/Sensors 
The exact parameters to be measured and the frequeney of their measurement 
vill depend on the engine installation to be controlled and the extent of 
control to be utilized. A summary of the fundamental measurements to be 
taken on a typical plant might include: 3 

a. temperature 

b. pressure 

c. level 


27 flow 


e. speed (rotational £ linear) 
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Table II 1-3 


CONTROL PARAMETERS MEASURED IN TYPICAL LOW SPEED DIESEL INSTALLATION 2 


Matn engine cooling system 

Pump suction and delivery pressures 

Cooler inlet and outlet temperatures 
Cooling water tank level gage 

Reserve cooling water tank level gage 
Outlet temperature of each component cooled 


Main engine lubricating oil 

Pump suction and delivery pressures 
Cooler inlet and outlet temperatures 
Sump tank level gauge 

Pressures to and from filters 

Pressure at turbochargers 

Temperature at each main bearing 
Pressure at main bearing inlet mainfold 
Cylinder lubricating oil pressure 
Temperature of propeller shaft bearings 
Pressure of oil to reduction gears 
Temperature of reduction gear bearings 
Temperature of thrust bearing 


Main engine exhaust gas 
Temperature of gas leaving cylinder 
Temperature of gas to and from blowers 


Main engine pressure changing system 
Temperature of air at inlet 

Air pressure leaving filters 
Temperature of air leaving blowers 
Temperature of air leaving coolers 
Turbocharger speed 

Temperature inside scavenge belt 


Main engine guel oil 
Oil pressure to and from high-pressure fuel pumps 
Oil pressure to and from heaters 


Matn engine starting ar 
Pressure in each air bottle 
Pressure in starting manifold on engine 





EE 

17” torque 
g. gas analysis 
h. valve position/equipment running 
2 viscosity 
77 salinity 
7 voltage 

y auxiliary plant only 


17 current 


m. kva, kvar, kw 


Mostof the sensors used in practice for measuring parameters are analog, 
although some digital EE are available. A summary of plant instru- 
ment sensors which may be used is contained in Table III-2. Selection of 
actual hardware may depend on many things including economics, installed 
engine instrumentation, size and accuracy of the sensor/transducer, and 


response time necessary. A typical list of parameters measured for a slow 


speed diesel installation is shown in Table III-3. 


4. Signal Processing and Transmission 
50 Input 


Typical basic elements in connecting a process with a computer are shown in 
Figure III-1. The components that make up the so-called "front end" of the 
information gathering system are necessary to transmit the signal to the 
computer, modify the transducer output in terms of magnitude and impedance 

to conform to the computer input requirements, remove undesirable frequencies 
and noise by filtering, and convert the signal to a form acceptable to the 
computer. This task is greatly simplified by "multiplexing" which is simply 


the random or sequential switching of many matched and filtered transducer 
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outputs into one common conversion device. Multiplexing can take place in 
the digital realm, the analog realm, or in the conversion process (analog 


to digital or vice versa). 


Not all information from the process is in analog form. Besides a few 
digital sensors (i.e., temperature, etc.) there are simple switches or on- 
off devices which indicate process status, alarm conditions, valve posi- 
en]. equipment status and the like which are digital in nature. The basic 
digital input channel is similar to Figure 111-1 except for the absence of 


the converter. 


Various types of A/D and D/A converters are discussed in many texts, includ- 


ing criteria to be used in choosing among them. 


IM Output 


In many ways, the output channel (i.e., to the process) resembles the input 
channel (see Figure III-2). To control process functions, the information 
developed by the computer program must be put into a form that is compatible 
with the terminal equipment which is to receive this information. Unless 
these terminal devices can utilize digital signals, digital to analog con- 
version (D/A) is necessary, aná often an output multiplexer is used in signal 


transmission. 


In the selection of converters, it is essential that the designer know how 
accurate the presentation is (i.e., output versus input), and the speed of 


“0version. 


5. The Central Brseessine Unit and Related Subjects T 


The central processing unit (CPU) is the device that through the programs 
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c 
Seared internally in working storage, directs the operational procedures of 
the entire system. Important features of CPU design include word Size, in- 
struction set and addressing methods, information transfer, and Priority 
interrupt. Together, these influence programming, effective computing speed, 
end storage utilization. In the control of a marine propulsion plant, the 
system requirements will, in all probability, allow a "mini-computer" to 
be utilized. 

Word size and structure of words must be such as to ensure adequate pre- 
cision in calculations and to allow direct addressing of any storage loca- 
wowi thin one instruction word. 

BEB ructions in the form of command lists of process control computers 
are designed to facilitate process programming. Desirable features include: 
(1) commands to transfer variable length blocks of data between storage 
units or locations within storage, (2) single commands which carry out more 
than one operation, (3) flexible addressing modes for direct and immediate 
addressing, (4) address modification by use of index registers. These fea- 
tures reduce the number of'housekeeping" instructions, thereby benefiting 
the system by saving storage and increasing processing speed. 

Information transfer strongly influences the capabilities of the overall 
control computer system. The computer should be capable of simultaneous or 
parallel transfer. Three possible transfer methods are: 

(1) Program entry: every piece of information into or out of the 
processor's storage proceeds under direct control of program commands; in- 
put and output cannot proceed simultaneously or be overlapped with computa- 
tions; use of this method hampers on-line, real time capability. 


(2) Direct entry: the input or output device uses a stored read or 





Eo 
write cycle without otherwise affecting the CPU; this unburdens the proces- 
sor, allowing simultaneous input/output functions and computation. The 
00 ||) 1021 disadvantage is the requirement for external control circuitry 
and switching. 

Mmetoriuy interrupt is a design characteristic of the processor that 
gives it the ability to suspend work on a program in progress upon receipt 
of an interrupt signal, branch to another program in response to this signal, 
perform some specified routine, and then return to the original program. 1 
This capability gives the processor a highly efficient means of reacting to 
emergency conditions in the plant. Interrupt lines into the computer are 
activated by switches, electronic impulses, or other means that can be 
internally or externally initiated. Through a combination of hardware and 
programming, an interrupt priority system may be established (i.e., the com- 


puter will respond to a low lube oil pressure condition even though a fresh 


water jacket outlet temperature may be slightly above the alarm point). 


Priority interrupt also greatly simplifies real-time programming by allow- 
ing greater independence of various routines. It allows complicated program 
interleaving of independent routines, while alleviating the burden from the 
master program for housekeeping. In fact, program organization may be the 
prime justification for an interrupt system. In constructing the inter- 
rupt features, the designer must have a detailed knowledge of the physical 


plant/process dynamics before assigning priorities. 


6. Other Input/Output (1/0) Devices 
Besides the signals to and from the process (process 1/0), there are tvo 


other 1/0 categories of concern to the system designer, operator 1/0 and 





5 

computer 1/0. 2 (See Figure III-3.) The operator's channel or console which 
would be on the bridge and/or in the control room, provides the translation 
and communication links between the operator(s) and the propulsion plant. 

The computer I/O channel is the basic program loading channel, the output 
channel for machine readable information, and the communication link tc pro- 


grammers and service engineering people for diagnostic input/output. 


A growing trend in computer design is to incorporate within the I/0 channels 
BE” cc logic and certain control functions to unburden the CPU, for ex- 
ample, comparing a measurement with & standard value to detect out-of-limit 
inputs. Such features as the above, combined with buffer registers and 

other techniques simplify programming and greatly improve the capability of 


the control computer system. 


Modularity of the I/O sections is common in practice, for the control com- 
puter must be flexible enough to be utilized economically in & wide variety 
of applications and environments.(In particular, one must be extremely care- 
£77 101 all components of the shipboard system can perform satisfactorily 
in the at sea propulsion plant environment.) For this reason, control com- 
puter systems offer input and output selection capabilities which are easily 
expandable in small increments to more than 2000 analog and digital inputs, 
several hundred analog and digital outputs, and multiple logging and display 


devices. 


I/O devices from which the system designer may choose include: 
(19. typewriters 
(2) teleprinters (teletypes) 


(3) line printers 





—.. 


mu Oo mE eee — — < o xy 





l 
[ TYPEWRITER 
| | 
| | | 
VISUAL | B | 
| | | 
| 
| 
CPU | 
| CONSOLE | 
| 


— "mm eee 


COMPVTER 1/0 SECTION 


GP 


—  — سد س‎ > eee n مە‎ 


PROSA ANALOG / DI |GITAL I/O S ETT Or 


mm === me ë — 
= — — wm. ~~ ç — — — eee m 
— aa 












gi uem 
FIaveeE M-3 


INPUT € OUTPUT SECTIONS OF A CONTROL 
COMPUTER. 





+77 


| 
tb f 
| | 
! Å Dam DIGITAL PULSE ANALOG | 
| INPUT OUTPUT OPERATIONS INPUT 
CHANNEL CHANNEL CHANNEL CHANNEL | 
| COUNTING A/D CONVERT. | 
STATUS CONTACT TIMERS | 
| SENSE OPERATE PULSE SIGNAL 
INPUT È CONDITION . | 
I MULTIPLEX . 
| 
l 
| 





“Oh = 


(4) graphic display recording instruments/consoles 
(5) digital and analog audio/visual displays 
(6) card/tape readers and punches 


(7) manual entry devices 


ES 
7. Final Process Elements: Actuators 


The last physical element to be considered is the actuator through which 
computer control is implemented. Although digital control may favor electrical 
actuators, there are three categories of actuators from which to choose: 

Lus ic: may be single or double acting; linear or rotary motion ob- 
tainable. Advantages include: (1) high efficiency at full power and speed; 
(2) smooth, stepless, positive motion over a great velocity range; (3) ex- 
tremely high output power and velocity for given size and weight; (4) fast 
Betine; (5) can be designed to fail 'as is' on loss of power. Disadvantages 
include: (1) need for separate hydraulic system; (2) high pressure oil implies 
fire hazard if have a component containment failure. 

Pneumatic: widely used where speed of response not a vital factor; can 
be similar in design to hydraulic, but also has a diaphragm ки ии 
vantages include: (1) inexpensive; (2) no fire nazard; (3) operators general- 
ly familiar with pneumatics since widely used; (h) stored air can be used on 
loss of compressor. Disadvantages include: (1) needs separate air supply; 
(2) relatively slow acting; (3) low efficiency; (4) needs relatively com- 
plicated locking device to be held in place on loss of air supply. 

Electric: when used with a computer, eliminates need for an electric/ 
hydraulic or electric/pneumatic converter; motion can be linear or rotary; 
three phase ac motors most commonly used. Advantages include: (1) no ex- 


ternal system needed; (2) high efficiency; (3) clean. Disadvantages: (1) not 
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suitable for use in explosive atmospheres; (2) low power/weight ratio; (3) 


maintenance relatively complicated. 


Selection of actuators for a specific application must clearly be governed 
by the technical asvects of the plant or by economic requirements or both. 


Factors influencing the choice include: 


Technical Environmental r. Cost 
Use: remote, manual Atmosphere Short Limited 1 
or automatic Shock Medi um Ecos 
Rotary or linear mo- Vibration Long | 
tion Temperature (ambient) 


Speed of response 

Load to be handled 

Høst ioning accuracy 

Distance from control- 
ler 

Size/power ratio 

Weight 


Efficiency 


0. Back-up Control/Reliability le 


Although it is not within the scope of this paper to analyze in detail specific 
system reliability, the designer cannot ignore the fact that failures will 


eventually occur to some components in the control system. 


discussing reliability, one must first define what constitutes failure 


in the sense of loss of control. Loss of an individual input or output line 
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is to be expected more frequently than failure due to the CPU. Because 
individual channel failures may not cause system shutdown, the maximum 
number which may be out of service at any one time will have to be estab- 


lished. 


In those instances where the control system is partially or completely in- 
operable, backup means must be available. Possibilities include: 

(1) Manual control devices inherent in the plant equipment, e.g., 
locally mounted indicators or hand-operated valves, etc. 

(2) Simplified manual controls to be operated from the central con- 
trol room with independent (from the computer system) instrumentation for 
the operator. 

(3) Complete and independent analog control loops. 


(h) Redundancy in the digital system. 


Each of these alternatives has its drawbacks, most notably the latter two 


which involve considerable equipment and expense. 
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HARDVARE 


1. General 

This chapter deals with the particulars of the DDC installation for the low 
speed diesel engine. Besides a description of the engine (highlighting 

only those features having impact on the control system), control strategy 
to be employed, and parameters to be monitored/controlled, typical charac- . 


teristics of equipment suitable to accomplish the task is presented (data on 


the equipment was obtained by a survey of manufacturers). 


Ehe Engine d (See Figure IV-1.) 

2.1 General Data and Arrangement 
The K98F engine (of which the TK98FF engine is a seven cylinder reversible 
marine version) is a high pressure, turbo-charged, longitudinally scavenged, 
single acting, two-stroke, crosshead type with centrally arranged exhaust 


Elves in the cylinder covers. Specific data includes: 


Number of cylinders 6-12 
Bore /stroke (mm) 980/2000 
Continuous Service output Bo DO ene 
Rev/min 100 

15475 C Ontinuous output SOOTHE 
Rev /min 103 
Approx. weight coefficient" 130 
Overall length coefficient* 1920 
Width of base (mm) 4920 


Overall height (mm) 12950 
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OYLINDER. COVER. /HEAD ASSEMBLY 


EXHAUST VALUE 


TURBOCHARGER PISTON) CYLINDER JACKET 





CAMSHAFT 


Section through the K98FF 
engine 


TIE BOLT 


пеЈес 1-1 








EG 
“Note: (1) Weight of engine (metric tons) = (wt. coeff.) x (no. 
of cylinders + 1) 
7 rel lengtn of engine (mm) = {length coeff.) x (no. 


of cylinders + 2) 


The cylinders are divided into two groups, between which is the chain drive 
Bemevalve motion and fuel pump drive. The scavenging air manifold extends 
the length of the engine. A characteristic of the engine type is the system 


of vertical through bolts extending from the top of the cylinder frames down 


through the scavenging air boxes, A-frames and bedplates. 


eee) Cylinder 
Fach cylinder liner is suspended in a heavy cast-iron cylinder frame located 
on top of the scavenging air box. Cooling water (fresh water) for the cyl- 
inders flows between the liner and the frame. In the cylinder cover are 


holes provided for the exhaust valve, indicator cock, and cover cooling 


water connections. 


2.3 Piston/Piston Rod and Crosshead 
The pistons are cooled by oil supplied from the forced lubrication system of 
the engine. The oil is passed to the cooling space of each piston via tele- 
scopic pipes leading to the crosshead, through ducts in the crosshead, and 
up the piston rod through a bored passage. Each piston has six rings. The 
crosshead bearing surfaces consist of two guide shoes which are vhite-metal 
lined with grooves being cut horizontally in the face to ensure an adequate 
Supply of lubricating oil. A piston rod stuffing box and diaphragm arrange- 


ment separates the crankcase from the upper part of the engine. Outlet cocks 
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help detect the condition of the sealing and scraping rings; leakage of air 
shows that the sealing rings are out of order and an excess oil discharge 


means that the scraper rings are in need of examination. 


2.4 Connecting Rod and Mainbearings 


All bearings, i.e., crosshead, bottom-end and top-end of the connecting rod 
and main bearings, are lubricated from the engine forced-lubrication system. 
Oil pipes from the supply header are led to the main bearing covers. Thence, 
the oil passes through radial holes to the longitudinal hole in the crank- 
shaft journal pieces, continuing through holes in the crankwebs and crank- 
pins to the bottom-end bearings. Ascending through the longitudinal holes 

in the connecting rods, the oil lubricates the top end bearings and guide 


shoes, and then flows outward into the crankcase. 


E Thrustblock 
The thrustblock is normally incorporated in the bedplate at the aft end of 
the engine, but it may be a separate unit if so desired. The thrust block 
is of the single collar, pivoted-pad type. The thrust bearing is lubricated 


from the forced lubrication system of the engine. 


2.6 Camshaft Chain Drive and Exhaust Valve Actuating Gear 
The camshaft which actuates the exhaust poppet valves and the fuel injection 
pumps is driven from the crankshaft by a transmission system which consists 
of two roller chains of identical size. The valve actuating cams and rollers 
are lubricated by oil, which circulates in a closed circuit separate from the 


pressure-oil system of the engine. 





| 
1 
D 
1 


-62- 
fie Exhaust Valve 
The exhaust valve is situated at the center of the cylinder cover and is 
kept closed by two sets of helical springs. The exhaust valve is cooled 


by fresh water which passes to it from the cylinder cover. 


2.8 Fuel Injection Pump, Valves, Regulation and Filtering 
Fach cylinder has one injection pump which is actuated by the camshaft men- 
tioned previously. Fuel flowing through the pump body keeps it suitably 


heated. The roller guides of the fuel pumps, and also the valve gear, are 


lubricated from a special pressure-oil system. 


There are two fuel injection valves for each cylinder. The valves are cooled 
by diesel oil; stored oil from the diesel oil tank is drawn by an electrical- 
ly-driven pump and circulated through all the fuel valves, thereby forming a 


Separate circuit. 


For regulation, each pump plunger has two milled recesses, each limited at 
one side by a steep helical ridge. Regulation is effected by turning the 
pump plunger, by which the helical edges alter their position relative to 


the pump inlet holes. 


Between the priming or surcharging pump, and the fuel injection pumps there 
is arranged a fuel oil filter whose function is to remove extraneous matter 


from the fuel oil before it reaches the injection pumps and fuel valves. 


e.9 Cylinder Lubrication 


Fach cylinder has its separate lubricator driven by a helical wheel drive 
ES tne camshaft. The lubricator consists of a reservoir in which are ar- 


ranged a number of small pumps, each supplying oil to its designated point 
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Ere Uubrication. 


2.10 Governing/Regulating Gear and Reversing Mechanism 


The engine rpm can be varied over all speeds (above minimum) up to the maxi- 
mum speed of the engine. A hydraulic governor of the Woodward make is pro- 
vided to maintain approximately constant revolutions in all circumstances. 
The deflection of the governor is transmitted through a pull-rod arrangement 
to the fuel pumps. The fuel delivery of these pumps is regulated according , 
to the load. The governor is mounted on the upper chain transmission casing 
and is driven from the intermediate shaft of the chain drive together with 
the starting air distributor. In the case of failure, an electric generator 
fitted on the end of the camshaft actuates a solenoid valve which, through 
an air cylinder moves the fuel pumps to the no-fuel position. The starting/ 
reversing mechanism positions cams for starting air, fuel pump and exhaust 


valve timing. 


7 Turbocharger 


For the seven-cylinder engine, scavenging and charging air are supplied by 
two exhaust-gas driven turbo-compressors. The forward turbocharger supplies 
87 06 1-4, and the after, 5-7. Atmospheric air is drawn into the centri- 
fugal compressor through a silencer in which a filter is incorporated.  Com- 
pressed air passes through a sea Water cooler before entering the air mani- 
fold on the engine. The turbine is a single-stage unit, as is the centri- 
fugal compressor. The turbocharger is lubricated by its own individual lube 


oil system. 


2.12 Cooling Water Systems 


There are two cooling water systems; one is a fresh water system, and the 
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other, salt water. 


The fresh water system cools cylinders, cylinder covers, exhaust valves and 
the turbo-compressors and includes an elevated head tank and associated 


electric-driven pumps. 


The salt-water system supplies water to tre air cooler, the lube oil coolers, 
the freshwater heat exchanger, and fuel oil and turbocharger oil coolers if 
instalied. A simple schematic of the cooling water systems is shown in 


Figure IV-2. Duplication of pumps/heat exchangers is not shown. 


EU Lubrication 
There are several individual lube-oil systems as mentioned previously: 
Mes engine lubrication system: circulates oil from the crankcase 
sump through a separator and cooler before going to the bearings and cooling 
the piston. 
£7 er lubrication system: oil is circulated by individual cylinder 
pumps driven from the main crank by the chain and cam mechanism described 
earlier. 
Camshaft lubricating system: as described earlier, a separate system 
is used to lubricate the camshaft mechanism. 


Turbocharger lubricating system: the turbocharger lubricating system 


is also a separate system. 


A typical simplified system diagram for the lubricating systems described 


above is shown in Figure IV-3. 


2.14 Other Auxiliary Equipment 


Other auxiliary equipment includes: 
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Figure IV-2 
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(1) Air compressors (nose ии, air); 
(2) Fuel oil booster pump, preheater, filter and equipment for 
heavy fuel operation (which may include a filter, separator, 


several tanks with heaters and one or more pumps). 


3. Control Strategy/Functions to be Performed 

As discussed in Chapter III, one of the tasks for the system designer is to 
determine the overall goals of the control system and state explicitly what 
the control system will accomplish. The goals of the control system should 
include the achievement of superior economical and technical operation of 
the diesel propulsion plant. This can be accomplished by "unattended" 
machinery spaces, and automation only where it will achieve the overall 
goals (as opposed to unnecessary automation). The following is a list of 
the proposed functions of the control system: 

(a) Monitoring of the plant including detection and indication of alarm 
Eonditions. 

(5) Logging of plant parameters and conditions at required intervals and 
indication (display or printout) on demand. 

(c) Trend analysis recording and display. 

(å) Logging engine orders and responses. 

(e) Remote control of plant from bridge. 

(f) Automatic control of propulsion plant temperatures, pressures, levels, 


27 including auto starting of auxiliary equipments. 


(s) Performance of fault analysis and corrective action on alarm conditions. 


It was decided not to include: (1) cold plant startup/shutdown sequences 


due to their complexity and the fact that they could be performed manually 








2. 
by ship personnel when necessary, and (2) elaborate preventive maintenance 


evaluation such as used in reference (3). 


h. Parameters/Conditions to be Monitored/Controlled 
The plant parameters/conditions that should be monitored and/or controlled 
clude: 
Main Engine F. W. Cooling System 

Pump differential pressure 

FW/SW cooler inlet and outlet temperatures 

FW expansion tank level 

Reserve cooling water tank level (if installed) 

Outlet temperature of: (1) each cylinder 

(2) each turbocharger 


Pump status (on/off) 


Main Engine S.W. Cooling System 


Injection temperature (i.e., seawater temperature) 

Pump differential pressure 

FW/SW cooler inlet and outlet temperatures 

Lube oil cooler inlet and outlet temperatures 

Scavenging air cooler inlet and outlet temperatures, and supply 
pressure. 


Pump status 


Engine Lubricating Oil Systems 


Main engine pump suction and delivery pressures (or differential 
pressure) 


Cooler inlet and outlet temperatures 





EE 
Lube oil to engine temperature 
Sump tank level 
Pressures to and from filters (or differential pressure) 
Temperature at each main bearing 
Pressure at main engine bearing inlet manifold 
Temperature of thrust bearing segnent 
Pressure of piston cooling oil 
Flow at piston cooling oil outlet 
Cylinder lube oil pressures and flows 
Cylinder lube oil tank level 
Turbocharger lube oil tank level 
Turbocharger oil pressure and temperatures 
Camshaft oil pressure 


Pump status 


Fuel Injection Valve Cooling System 


Pump discharge pressure 
Temperature of oil to and from header 


Pump status 


Main Engine Exhaust Gas System 


Temperature of gas leaving each cylinder 


Temperature of gas to and from turbochargers 


5 .:0En0£in€ Preseure Chargzing System 
Temperature of air at inlet 
Air pressure in scavenging receiver 


Temperature of air leaving turbocharger 








20 
Temperature of air leaving coolers 
Turbocharger speed 
Imrbocharger vibration monitor 


Temperature inside scavenge belt 


Main Engine Fuel Oil System (less heavy oil section) 


Oil pressure before and after high pressure fuel pumps and filter 
Fuel oil viscosity 
Fuel oil temperature 


Booster pump status 


Main Engine Starting Air System 





Air bank pressure 
Pressure in starting air manifold on engine 


Compressor status 


nl r Engine-Related Items 


Direction of rotation and speed of shaft (rpm) 
Shaft torque 

Fire detection monitor 

Bilge level 

Crankcase monitor 

Fuel rack position 

Overspeed 


Reversing indicator 


| 2. Basic Control System 
| 


The basic hardware system for direct digital control of the 7K98FF engine 





E 
is shown in Figure IV- and discussed below: 


Process Inputs--inputs from analog and digital transducers 105117 ne 
monitored/controlled variables discussed previously are passed through signal 
processing devices, an input multiplexer and analog-to-digital converter 
Miñalog inputs only). 

Central Processing Unit (CPU)--the capacity of the CPU will be estimated 
10 Chapter V. 

Control Room and Bridge Panels--these panels are for display (alarms, . 
conditions, etc.) and informational inputs (engine orders, etc.); the bridge 
console will contain less capability than the control room, but sufficient 
for unattended machinery space operation. 

Other I/O Equipment--teletypes and/or typewriters can be used for logging 
and alarm printouts; additional system flexibility is added by having card 
reader/punch equipment. 

Process Qutputs--analog and digital control outputs are sent to the pro- 


pulsion plant (process). 


6. Interrupt Hierarchy 


The control system must be able to respond rapidly and logically to casual- 
ies in the propulsion plant. To accomplish this, a priority list of inter- 
rupts based on reference (4) has been devised (see previous discussion of 
Enterrupts in Chapter III): 

1. System override (to be used only when operator determines safety of 
the ship is at stake despite other problems). 

2. Maneuvering. 

3. Low lubricating oil pressure to engine or thrustbearing. 


h. High thrust or main bearing temperature. 
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—. 
5. Low level turbocharger lube oil tank, 
6. Low flow piston cooling oil outlet. 
{. Low lube oil pressure to camshaft. 
8. Low cooling water pressure. 
9. Excessive turbocharger vibration. 
EE High lube oil temperature. 
ll. High cooling water temperature. 


12. Demand printout and trend analysis. 


1. Component Hardware Survey 


As a part of the design effort, over 100 letters were written to selected 
manufacturers in an effort to ascertain the availability of components re- 
quired for accomplishment of the control scheme. Replies were received from 
approximately 60 of them, and roughly 70% of the material described compo- 
nents thought to be capable of operating in the shipboard propulsion plant 


environment. 


It is to be emphasized that vhat vas accomplished was a survey. The material 
presented in this report is not intended to be an exhaustive representation 
Of hardvare available, but only vhat is typically found. Matching of indi- 
vidual components (voltage, current impedance, etc.), vhich may be a difficult 
enden in practice, was not considered to be within the scope of the project, 


and therefore was not attempted. 


Å brief summary of the results is included below, with more detailed specifi- 


cations contained in Appendix C. 





> 
(.1 Sensors 

Information was received covering the following sensors: 

a. Temperature detectors--resistance temperature detectors (RTD"s) 
and thermocouples. 

b. Pressure/differential-pressure transducers--information on a 
vide variety of devices covering high and lov pressure ranges vas received. 

c. Liquid level--only one response vas received, but suitable 
equipment is manufactured by a number of firms. 

@. Other sensors--these include flame detectors, displacement (vi- 
bration) probes, torque and thrust meters, and tachometers; as above, a 


limited number of replies were received, but others manufacture similar equip- 


ment. 


7.2 Multiplexers and A/D, D/A Converters 


A Ber of firms are engaged in this field and selection is from a variety 
of products; as in other areas of hardware systems design, it cannot be over- 
stressed that matching of sensors with other "front end" equipment, and the 
subsequent matching of this equipment with the computer must be addressed in 


Me practical application. 


I 1/0 Devices 
A limited number of replies covering teletypes, printers, graphic recorders 
and CRT's were received, but a large number of product lines in these areas 
exists on the market. Information on four data logging systems, including 
those manufactured by Decca and installed aboard a number of ships was 


covered. 
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7.4 Central Processors 
There are many small process control computers on the market. Unfortunately, 
most of the ones applied in shipboard use in the past have been of foreign 


manufacture, and ones covered by this survey are of domestic origin. 


I Acetuators and Interface Fquipment 


Actuators and associated interface equipment are highly dependent on terminal 
equipment selection (valves, etc.), and so the information presented is only . 


a sample of what is available. 


7.6 Whole Plant Computer Control Packages 


A limited number of firms market process control packages adaptable to cus- 
tomer requirements. Of those replies received in this survey only ASEA's 
"Dieseldac" and IHI's TCM 24D have had marine application in the past, but 
others are included to show what is available in industrially originated 


packages that might be adaptable for marine use in the future. 
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GHAPTER V. 


PROGRAM LOGIC 


1. General 

Design of the logic to implement the previously determined control strategy 
and functions is the final phase within the scope of this project. It is 
also as far as a design team could proceed in an actual system design until 
specific hardware was selected. Based on the strategy, functions to be per- 
formed, logic development presented herein, and the sizes of similar projects 


aboard ships, an estimate of process control computer size to implement this 


scheme has been made (see Section 6.3). 


Basile Structure 1,2 


The functions that the computer system is to perform (see Chapter V.) can 

be grouped into three types: (1) the recording functions; (2) the super- 
sine functions; and (3) the control functions (see Figure V-1). These 
three types are categorized by the nature of the action taken by the process 
control computer. If the output is in the form of typed or printed records 
to be examined later, the computer is said to be performing a recording 
function. If the output is in the form of signals to the operator, the com- 
puter is said to be performing a supervising function. If the output is in 
the form of signals transmitted to control the process, the computer is said 


to be performing a control function. 


EE Ihe Operating System 


To sequence and control these three functions, a coordinating routine (called 


an executive routine, a monitor system, or an operating system) is needed. 
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E 
The primary tasks assigned to an operating system for on-line control are 
to schedule and execute the various programmed control assignments, co- 
Ordinate the servicing of interrupts, supervise I/O activities, analyze 


and correct computer malfunctions, and oversee bulk-Storage transfers. 


A block diagram of a representative control computer operating system is 
shown in Figure V-2, and a flow chart of its operation is presented in 
Figure V-3. The system has two principal components, a normal mode control . 
routine, and an interrupt mode control routine. Communication between them 
2  complished automatically through the computer's interrupt system and 


the programmed interrupt return. 


In the normal mode, & program block scheduler determines the control pro- 
gram that should be executed and then loads and executes it. During execu- 
tion, a number of I/O control and mathematical function routines are avail- 
able to the control program. If no control programs are waiting to be run, 
the system inquires whether other work is waiting, or enters an idle rou- 
tine. An interrupt (either clock or process) will return program control to 
the control-program scheduler to reinitiate the control Re sequence. 
Interrupt mode operation requires the interrupt condition to be identified 


and serviced, and program control returned to the interrupted program. 


E The Recording Functions 


In performing the recording functions, the computer presents tabulated in- 
formation ranging from raw data to more complex engineering data. Raw data 
presentation includes variables of flows, temperatures, and pressures at 


prescribed intervals, and also printout on operator demand (see Figure 7-1). 
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AS proposed in Chapter IV, the recording functions for this scheme include: 
a. Logging of plant parameters and conditions at required periodic 
intervals and on demand. 


b. Logging of engine orders and responses. 


The logic for these functions is shown in Figures V-5 and V-6. The periodic 
logging is scheduled by the operating system, while the demand printout is 


generated by an operator-initiated interrupt. 


2.3 The ENpervisinge Functions 


In the supervising functions, the computer acts as an important link be- 

tween the propulsion plant and the operator. The computer scans input volt- 
ages that represent physical variables and compares each scanned voltage 

With the setpoint in its memory. In some cases, the scanned quantity is a 
pattern representing the open and closed states of valves, the "on" or "off" 
condition of motors, and the like. Visual/audible alarms are given when 

limits are exceeded, and the alarm values are printed out. Under certain 
conditions, such as equipment failure, it is desirable to have a history of 
events preceeding the failure. To do this the computer is programmed to 


preserve readings over a specified interval. 


The supervising functions contribute significantly toward allowing engine 
operation from the bridge (unattended machinery rooms) or from the control 


room during abnormal situations or complex evolutions (see Figure V-7). 


The supervising functions proposed in Chapter IV include: 
a. Monitoring of plant parameters and detection and indication of 


alarm conditions, including alarms when the rate of increase is too great. 
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17 "Tintout of alarm conditions including trend analysis. 
Bridge and control room display of information to allow control of 


oie plant remotely. 


The logic for the supervisory functions are shown in Figures V-8 and V-9. 


Вин Тһе Controlling Functions 


The two sub-types of the control functions used in this scheme can be called 
sequencing and variable control. The former involves emergency action pro- 


cedures, simple startup/shutdown and maneuvering. The latter is the familiar 


Problem of closed loop control of interacting or non-interacting variables. 


The emergency actions involving diesel shutdown or slowdown are in accord- 


ance with reference (3) and are listed below: 


Shutdown Slowdown 
Low lube oil pressure to Low lube oil pressure to main 
main engine and thrust engine and thrust bearing. 
bearing. High temperature of thrust bear- 
High temperature of thrust ing segment. 
bearing segment. how flow piston cooling oil outlet. 
Low level in turbocharger Low pressure lube oil to camshaft. 
oil tank. 


It is assumed that when the same condition results in a slowdown and/or 
Shutdown, Burmeister and Wain intends that the latter be initiated at a 
more severe condition (i.e., lower pressure or higher temperature) than the 
former. Subsequent followup action shown in Figures V-11 through V-13 such 


5 “tarting of the standby lube oil pump on the low lube oil pressure 
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r 
casualty is not explicitly stated in reference (3) but is suggested by good 


engineering practice. 


Several other emergency action procedures involving no immediate shutdown 
or slowdown are included in Figure V-13. On some unattended machinery space 
installations, these conditions lead to engine slowdowns, but since refer- 
ence (3) did not specify such, this feature was not specified, but temporary 


corrective action was incorporated. 


Simplified logic for startup following a short duration shutdown is shown 
in Figure V-14. A more detailed delineation would require knowledge of a 


specific plant configuration. 


Logic for maneuvering is shown in Figure V-15. Due to the nature of the 
large bore, low speed engine and the practice by Burmeister and Wain of us- 
ing a Woodward governor for speed regulation, a complicated control scheme 


for maneuvering and speed control is not necessary. 


Closed loop control of other plant parameters is accomplished in standard 
fashion (see Figure V-16). The control algorithm used in each loop would 


be dependent on hardware and the parameter being controlled. 


7 Estimate of Process Control Computer Size. 





Determination of the central processor size required for a control applica- 
tion depends on several factors; among the more important are the functions 
to be performed, the number of points to be monitored, the speed with which 
the points are scanned, the size and complexity of the interrupt system, 


and the skill and efficiency of the programmer. 
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The accuracy of any estimate of the size required will depend on the level 
to which the programming has been developed. If the programs have been full 
written in machine or higher level language, rules of thumb such as the fol- 


lowing for Fortran, 8 bits/byte, à bytes/word can be utilized: 


DO STATEMENT 15 bytes 
IF STATEMENT 12 bytes 
GO TO STATEMENT h bytes 
ARITHMETIC OPERATION h bytes/operation 


In making an estimate based on the level of logic development of this re- 


port, such rules are of little value. 


A rough estimate of the CPU size can be made by comparing the proposed con- 
trol scheme contained herein with «nown sizes of systems now in use. Using 
the computer systems discussed in Chapter 1 as a reference, it is estimated 
that implementation of the control system proposed in this report would re- 


quire a memory size of 10-12K words. 
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CHAPTER VI. 


ADDITIONAL CONSIDERATIONS 


1. General 

The procedure used in this paper to devise a computer control scheme for 

a low speed diesel engine forms only a part of the procedure that would 

be used in an actual installation involving perhaps far more than just the 
engine itself, i.e., electric power generation, navigation, cargo handling, 
etc. The procedure was of necessity abbreviated, and the scope limited so 
that one person could carry out the task in a reasonable time frame; the 
problem was simplified and certain vital considerations were not included. 
The purpose of this chapter is to explicitly state some of these addition- 
al considerations that the design team must reckon vith in an actual control 


system design. 


2. The Systems Engineering Approach 1 

The "systems engineering" approach to planning a computer control system 
is commonly used in other computer applications, and may require modifica- 
tion for use in the design of a shipboard computer controlled system, but 
is presented here for informational purposes as being a useful method. It 


views the problem as consisting of several major phases: 


5:77 16 Ereliminary-Study Phase 
İn this phase, a variety of subtasks are addressed including: 
(1) Management orientation--ensuring higher management has been 
"educated" so that it may carry out its functions with the 


project in mind. 


(2) Specification of scope and goals--as emphasized previously, 





(3) 


(4) 


(5) 


(6) 


TO 1: 


this function must be performed early in the project. 
Establishment of project administration--the success of 
the project may well depend on personnel assigned and the 
manner in which they are organized. 

Fro ect Lean orientation--tralning of the team by con- 
tractors may be required. 

Technical survey--gaining a thorough understanding of the 
systems to be controlled, operating procedures and the like. 


Economic survey--establishment of the economic feasibility 





of the project; identification of the areas with the great- 
est potential return. 

Specification of computer functions--formulation of a gen- 
eral operating and control strategy for the computer; 
enumeration of computational tasks (areas of control, re- 
Belin m re 

Evaluation and approval--an important check point to ensure 


further effort will be worth the cost. 


b. Equipment Planning Phase 


This phase includes: 


(1) 


(2) 


(3) 


Erol Econ e a e pee cations -development or 
an approximate configuration of the computer system. 
Equipment Jocation--deciding where major components will be 
located. 


F I pili nien 01404 s eni aent determining parameters 


to be monitored and controlled. 
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(4) Survey of installed instruments--applicable only to systems 


a ———————— X — 


that are to be modified. 


(5) Determination of supplemental instrument requirements--same 
as (4) above. 
(6) Determination of equipment Moditteations and their costs. 


(7) Planning computer inputs and outputs--detailed planning of 


system inputs and outputs; signal processing and transmis- 
sion requirements; man-machine interface requirements. 

(8) Instrumentation specification--determination of size, range, 
response characteristics, sensitivity and signal level as 
applicable; determination of cost. 

(9) Planning of instrumentation installation and configuration-- 
determination of component location; detailed signal level 
specifications, filtering requirements, A/D conversion rate, 
interrupt priorities; CPU storage size, speed, registers and 
instruetions. 


(10) Computer system pricing--self explanatory. 


(11) Evaluation and final approval--a key go/no-go point. 


27 vplication-Development Phase 


This phase addresses many of the more creative problems in system design 
including: 
(1) Computer traininz--contractor courses for operating person- 
nel and programmers as necessary. 
(2) Preparation of off-line programs--programs for process 


modeling, data analysis techniques, and the like. 
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(3) On-line program training--to acquaint programmers and opera- 
tors with executive routines, monitor programs, scanning and 
logging routines, etc. 

(4) Collection and analysis of data--collection of needed data 


ә —=һт ә ———ҝситтт=ҹәнә--ҹин—ҹама-‏ ت کے 


beyond that obtained during the technical survey. 


(5) Model development or refinement--sometimes an ongoing task 


or perhaps utilizing an already existent model. 


(6) Development of recording and reporting functions--development 


of output reporting content and format. 


(7) Development of operating and control strategy--construction 


in detail of logic and control strategy. 

(8) Development of process-monitoring functions--given specific 
instruments, control system configuration, and operating 
strategy, process monitoring details can be determined. 


(9) Planning of on-line tests--to check out the model and the 


entire computer control schene. 

(10) Programming of on-line operation--after the computer func- 
tions have been developed, they must be зд. 

(11) Testing of programs--self explanatory. 

(12) Training of operators--particular emphasis should be placed 


on the man-machine interface. 


d. Installation Phase 
The final phase before operations includes: 
(1) Confirmation of computer svecifications--includes final 


configuration and delivery dates. 
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(2) Order instrumentation--self explanatory. 

(3) Modify the process--as applicable. 

(4) Install instrumentation, test and calibrate--an important 
SLED. 

(5) Construction planning--details of the physical installation 
drer put on plans. 

(6) Installation of interface units--self explanatory. 


(7) Installation and testing of computer system--often performed 


by contractor personnel. 


Operational Phase 


This phase includes refinement of I/O data and format, maintenance re- 
quirements and a host of other items as the system (and operators) are 
broken in; it is a shakedown period. Only after this gradual phase-in 


period can the system be truly called operational. 


The above phases are shown in flow diagram form in Figure VI-1. 


3. Economics 

55 gü an economic analysis is not a part of this project, computer control 
of an actual propulsion plant must face the same scrutiny as any other proj- 
ect which competes for limited investment funds and personnel. The extent 
Siecomputer control, direct digital or otherwise, and the decision of 

whether to install a computer system at all depends on its economic feasi- 


bility. 


our main factors contributing to the total cost of a computer control‏ ان 


scheme are: (1) computer system costs; (2) instrumentation costs; 





'329fo1d uotjsot[ddvw [041403 soyndutos Y JO] WBIÍTIP mony 


E T-IT 380913 


4 ذه 








اسن 
HNDTV‏ 
а:одагф‏ 


qç 


buwa 


(a ndo) 
og 


duij= un 


22 









0:09 
LAL 


ot 








PHELTII 
DI إنازة‎ 


vi 





040p 
3291103 


Wi 











“00.30 








— ——— -—— —— ——— — — — - —VM Ç ل‎ — 





du MÉ 1901143054 
woderg кн 
Ut 0019430 
ug 
ATT 
LETT TT: 19.440) puo 
ste, bury 6 /ado 
i uç 60/1380 25040 
4 quawdoesap 
u0:4021/ddy 





4,10) 
401,09 20 
301463 






















































































































Mif iylu? 52 1401,03! jpou | 
vo 148200 
7. mər «614 vö 10 (10389 
| Ки HIEN 205 nm SES 
AvB DIN) 
UN ən, » 9% m» q51400413 
O r 14403 zt 
1122008 
ri 0099 Que Se ` 
| ا‎ i 118304 » 4051413 
| TI EN 12 
| REN 27 H 19201000 ua ania) tjwdwanndas 10402460 tor dung v0:40408110 
NEL ndo FAT 100: ) bus 0140 14 نی‎ Sur quawansy 010p puo 10500403 “taş w 04080 
vu! +90 ¿104 Pue 110463; v0*,0^;0^3 Ay 13085 | 0ن 0ن مه امار‎ 00 411005 nalog јәдммабәзод 
7 42 T az 22 4i d pi ° 
Braun Bud: 4091 4,9048 
e 1907 43u^ 4 snows : 
4102 
$ ə | “33082 ang 
99-04 
Odo a ouo Er 21001483 
sələ | v0 1404684002 
watis 1:16 350 
4419805 goo Handy: Sua Nj Fu! 
uğ 035003 pario ds 
weg dam; 
| NZ på 
Or 4Du ۾‎ | 
1004003 
نا‎ 6 ado 
| ovo 
a. | 
bu vvo)$ 1404091419404 | 
\ 4,4 wati g 
| бидум дә 03402 
rou wag 
a? 02 
35040 35040 sro0yd 
ə. СД Buuuod Aprys 


10u01401290 juawdinb y 108udinb3 ل 8 انه |2010 م‎ 





-106- 
(3) installation costs; and (4) project staffing costs. Incentives 
(positive cash flows) include possible reduced manning levels, reduced 


operating costs, and increased availability of the ship. 


Current evaluation techniques, whether of the net present value, payback 


or other type must then be applied so that a decision can be made. 


From at least a hardware standpoint, the future of computer control is 
promising. Historically, the price of computers and associated hardware 
have been decreasing at a significant rate. This coupled with factors of 
increased operator experience and improved equipment reliability should 


generate new interest in computer controlled systems. 


h. Regulatory Body Requirements 


The various major regulatory agencies associated with the marine field 
have established recommendations (i.e., requirements for ship certifica- 
tion) for designers in developing automated installations. Although the 
regulatory bodies have varied prime interests which to some extent are re- 
flected in their requirements, the feature of safety is common and empha- 
Sized in all. Integrity of control and reliability are stressed; all re- 
quire that manual operating capability be retained as backup for the 
automatic systems and for use in startup and shutdown of the plant. A11 
urge the definition of proper protective functions for the whole machinery 
system, but the degree of explicitness varies as to minimum requirements 
for major plant elements. A brief comparison of the significant differ- 


ences in emphasis by the major agencies follows. 
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Det norske Veritas 

This agency concerns itself with three major areas of automation: (1) 
automatic control systems designed to keep plant parameters within control 
limits; (2) monitoring and informational display systems; (3) remote con- 
trol (i.e., bridge or control room) of machinery. For unattended opera- 
tion, specific recommendations are directed toward alarm system responsi- 
bility, control transfer and communications. Automatic recovery is not a 


part of the system in the event of shutdown or reduced capability. 


NES. Coast Guard 
The emphasis by this agency is directed toward fire and flooding alarms. 
In addition, Coast Guard regulations permit limited automatic startup 
after shutdown, thus moving further into the area of automatic recovery. 
Alarm monitoring responsibility is directed to the engineers' quarters 


rather than to the bridge watchstander. 


American Bureau of Shipping 


ABS regulations generally are similar to those of Det norske Veritas. 
Alarm monitoring is directed to the engineers' quarters. Control, monitor- 


ing, and alarm functions are spelled out in considerable detail. 


Me a 5 Register of Shipping 


Lloyd's requirements, though brief, emphasize safety of ship and machinery. 
Automatic systems, when installed, must protect the plant, bring faults to 
the engineer's attention, and notify the bridge watch of any degradation 


2 propulsion capability. 


References (5) through (10) contain more detailed information on regulatory 
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dy requirements. 








ED. 
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| CHAPTER VIT. 


CONCLUSIONS AND RECOMMENDATIONS 


Conclusions 

Automation of slow speed diesel engine propulsion plants has progressed 
substantially since its introduction in the early 1960's. Today one could 
say that automation, in one form or another, is widely used in the marine 


field. On the other hand, control using digital computers has been success- | 


fully applied, but its use is far from extensive. 


As in any practical situation, the economics of digital control have to 
some large degree influenced the magnitude of its usage thus far, and will 
continue to do so in the future. If current economic trends are a guide, 
the decreasing hardware costs (combined with increasing operator experience 


and reliability) suggest increased application of digital control techniques. 


Design of a computer control system is far from a simple task. It requires 
application of skills which cross the normal disciplinary lines. Complete 
system design, installation and subsequent operation constitutes a task of 


proportions beyond the limited scope of this project. 


Direct digital control is a technically feasible scheme, and one that offers 
Several distinct advantages. Hardware of requisite accuracy, durability, 
compatibility, and reliability at reasonable cost seems to be available. 
There are several whole plant digital control packages already at sea and a 


far greater number of industrial packages. 
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Recommendations 
Since this project was limited in scope, further development is necessary, 
including: 

a. Investigation of complete machirery plant control (including auxil- 
Mary generators, distilling plants, etc.) using DDC. 

b. Inclusion of additional features such as startup after long dura- 
tion shutdown, heavy fuel operation, and the like. 


с. Economic analysis of control alternatives including DDC. 
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APPENDIX A. 


Diesel Particulars 

Test bed data for the B/W 7K98FF engine are shown in Figure A-1. The 
ideal diesel power-speed curves for constant fuel settings are derived 
from this and are shown in Figure A-2. The torque-speed characteristics 
are in turn derived from this figure and are shown in Figure A-3. The 
continuous service rating of the engine is 24,500 metric bhp at 100 rpm 


and the maximum continuous rating is 26,600 bhp at 103 rpm. 
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APPENDIX B. 


` Program for "Crashback" of the B/W 7K98FF from 12 Kts. 





Sia 


LOST TROEN MO OT 

DIS OSL XOuddv RI USA II OU SI 35 Ted NIE oa n p 
ال مه‎ 

700 TI ل‎ 

ONLLIGJS Mt of ) 2 لهم(‎ 

vS OES 

OU OS ° e 3 eee 

S Gh UGE "=" LO tC AA SUN VE EN NNN 

Ui UOUZg WOO QUA) GUI 

(Sdo Sec") Way SI SI 3S%JA3% NI CIOS SNNT 
(SdH 26°) sda cS IV NI INJ SPV 7 S 
(GİAxbo”-(SG)A 


HOL IVS Mülləoəhnüzsü 1iSüdal AG GID VISNE TG 


لم ( 2 ) - 565 00 ° عدر) د بأ رابا عدن ) 

30 اناك‎ GLT GS TENNE 

JHO+UY1 BUT Hatutd 41П4ИОЗ 

LUsWwoON Sues lao 

ISMenid dultadbad SI (S)A 

ışfariL ou 14d6 3d 07 

Cxk (1 CVAD OS ) 4c eV ie Na 

(OI II SAS VI PEN O) 

330697 3IMO4UL UÜNV 1511451) 0640077” 
aa SO UO L SGN Vy SNE 

(с)А= 5449 

IIS/ASY Nl älva ҸО11Ҹ1ЈӘ 14Ј7УҺ5 5165 
(U)AxJO* VA 

JINVAGY 3J 1445 NNN A, 
15610 Тир 

a S AOA IA 

لم( غ) 51 2001510 

200000 EN PENNEN 
ViyJHl d I9Nv NVlOVvu ST (DIA 

ENE EEA A” 0 Һи 
5:51 0)022612 000 ии 

dad: NV 439861 MIO oil sean 
nISO4 SNIINVJYEGNS 


9 


Qu 


OC O 


oS] Oo © O Co © 


ә 2 





-11€ 


ur 


0-5305 5: 15 


JE 6 hi 


UNS 

NAN L 34 

O A A UD TS 
LLLP ILS OSI IN 
(9?)A-(t )AU 

0-31 * t$ )A-3O-G all )s Cc) AG 
vc O (EPA ING 

(JONS) 131115 11V2 

CETA SNS 

JNOELL NOT INN NE 
NJI1II GS IVS NN NNN 
A A A A 

dG Lod V SV IINVLESAS TASAS لل‎ 
OoUL=( GIA 

WOUL 1354104266 CLİ 
(GAULA) Јән ə 

(1L) A2 AM 

LETAL Al 
1000650507 


uulLLsud..d4sllı-uxuu002: 3005 


ulu” 

5121006 05) 
1040 am) Jean ere? 

(L)A-JM 

ӘМ1Ј 145 1363 51 JM 

* 024,2 Ы = ti ASEO 


o 


o 





- 


-119- 


Ls 


dJSS-etakhi V 


“uu celd J SI 


Moflad 

62:10 (1c0-3 0 00 7 Dİ 
aft Jg 
L'96x(*0uv5g-J^4)**COCO9 ] 1 الات ن-‎ 
Kafll J3 

C" o6xl UV ال 0000127170 ارو و‎ 
ivdflldd 

* )ع | نغ‎ OLGA) NLD 

N dili J3 
"uccxtteSt—-4Jnpr oc 2 
ХӘ11Ј84 
*491*1*0992-4Ми)Ре*0С06с59=ЈаДЈ1 
No(í1Ll 33 

(co 1-3» )3 0000 ws HUM 
NYNI 328 

"OF IE weoo-dn)c d DUUM 

Nofildd 

* 000115-01 

NufíYL du 

*C=0*01 

Gl BL DIC OO ESA M 

71 ul GPL ENN EN 

2-1 OR BUTLER NE 

CI UL UO OL O A 

] ] GJ NNN | 

OT DN NNN 

бы ир UO UGE TS 

G UL duet cole EN 

L. Ul MORE C ECC O TTS 

OA ED TE pe 

SV ONILLJV $i 13$4lü *9ct NVHI SS4 |! 51 әм Мәним 
JJ 1 a 0”: 

Др SS ao SANOS ds Ad Na 
l VS 116 


WEEN 


is 
x 


Nok LINNS V SV GJNGdDL 19385310 SJ6GHL M/U SJLNAWUI N 


(0d0L*3M) 4wWwYNY ANNI 1069/18 


ST 


vi 


el 


21 


11 


01 


لاغ 2( 0 0 00 








P20 - 





-121- 


us 


UNI 

Noli au 

s - 1‏ ول 0ن * 

Mart 

*00052=340 

Noftide 

*00009*ҹӱ=30 

b: 0 NS O Бе 1051 
NS CUNY ce Ue O NS. Jj] 

“uk cac NI ust üc Ul... luldil TU 
JIS u3d Adu NI (NS) 31Vd NOILVIIY 14VHS SI ifldNİ 
NUT 19144 13VHS S49LINdWLUI INLLINUdUNS SIHI 
(405NS) L3VHS ANT LNUd&Ahs 


bi 


OT 


EXC o 


5 WP 0130412. 3 RE, Ké, D lag? A? 
i ` 
T. 5 AA IAR a | de — i 


— 





-122- 


de 


ə : EN 


) S moe ير‎ ] 76 5 (RS 
6071104550 Uu ect em 


a... 


Loe 00 


fe ” 1)4156е9?210*4(на”О1Т)5 ИЈ il.“ 1 06 
"yy oll.” 1 ai Hu er DB io 0001506776 007 7 p p ли, 
SOU” AD 413500 627190 a 01 7 0 7 
OO PO OD) 
AQUA Prbun”Lu0cc660070717 01101 


“x ucu” + thee Oo) O A A E A DEUM 


Cine soli) Sart Vive cl tl” 5.) 
Co” (ux Laie © COGE 2 


e (x 


(rs OIlINISC20IUUGC TGS CMS 000 ae 
u2LIO*-(ux "uo)NISxéSSUulOC*-Ubx" uds OT 
"LISDIRLE RB IE eelere 
1)ыЈЈАбО2 U II TH UT GE IR ISR IS ILY U Al uG I) SEI Ir U EST SS 
TI rd) SIE GLI TE? (GE Lt INIS HZ ZOO I + (dr SS) 51 25 re 


an 
ec Ai 


SN LS 


«FINT AND) 

1179=Ҹ 

eb SL 

LS" [=6& 

CAJAS 

Se O IT UT 

A GOI SOS 

0-0 1 0ل 0/0/ ( ؛ ”م 5ل 50 ) ) 

MƏÖVİİV 30 3 19NV JlvviuUdGAH SI Y 

TI OL U9 TOT A A UOTE oe wen 
OL OF DUY(UTIDTVA NNN ONE 
ј(004Ј1=0 

1 1841=-1 

ЈЈУН МЈ11У 1, duud-5wuus 

a INVNUY iti (5000 6066 VA 

ALISNaU Clilhl)j=OH 


CO (cur GdeSddSel + dra VA) (baad )ə( 70/91” üHəesa”)ı/2c-02 
(ESN) NUNAN) HAST N/L) 
A nda ии Ди иј DNU ON VA LS Mo JV sulu f udo CS dus) 


Jive NANA dida 


JNV 


AMA AO AS duda say ؟‎ 


DNA 


duod OL=bu güz “3402 3f0NÜ1 ÜNV 13H1 S31f4302 SNILNUJUYNS SIHL 


(09*1I*SdaS *VA) dlaodø 3NI INLDYYNS 


cl 
b 


01 


NENOV O OU Ç C C: JV Û 








: 


dre 








-124- 


APPENDIX C. 


HARDWARE SURVEY 
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